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HIS book contains complete specifications and 
detailed drawings of Built-Up Roofings for flat 
roof decks. 

It is the first of a series, which treats with the 
following subjects: 



VOLUME I— FLAT ROOF SPECIFICATIONS 

VOLUME II— STEEP ROOF SPECIFICATIONS 

VOLUME III— ROOF FLASHING SYSTEM 

VOLUME IV— ROOF DRAINAGE SYSTEM 

VOLUME V— DAMP-PROOFING AND 

WATER-PROOFING 
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The data given in the Reference Series comprises the most 



me 



of a century's experience and practice in the field. 

For the unusual roofing or water- proofing problems, we main- 
tain a Construction Service Department distinct from our sales 
organization — their services for consultation are at your disposal 
at any time. 

The ^^^^^ Company 
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BARRETT SPECIFICATION TYPE "A A" (5 -Ply) 

ROOF FOR USE OVER BOARDS 

FOR INCLINES NOT EXCEEDING 
TWO (2) INCHES TO THE FOOT 

HE roof deck shall be of seasoned lumber, smooth and free from loose boards, large cracks 
or knot holes, and free from loose material. If roof deck is inclined, it shall be properly 
iiraded to outlets. 

FIRST— Lay one (1) thickness of sheathing paper or unsaturated felt weighing not less than 
five (5) pounds per one hundred (100) square feet, lapping the sheets at least one (1) inch. 

SECOND— Over the entire surface lay two (2) plies of Specification Tarred Felt, lapping each 
sheet seventeen (17) inches over preceding one and nail as often as is necessary to hold in place 
until remaining Felt is laid. 
THIRD — Coat the entire surface uniformly with Specification Pitch. 

FOURTH— Over the entire surface lay three (3) plies of Specification Tarred Felt, lapping 
each sheet twenty-two (22) inches over preceding one, mopping with Specification Pitch the 
full twenty-two i 22 i inches on each sheet, so that in no place shall Felt touch Felt. Such nailing 
as is necessary shall be done so that all nails will be covered by not less than two (2) plies of Felt. 

FIFTH Over the entire surface pour from a dipper a uniform coating of Specification Pitch, 

into which, while hot, embed not less than four hundred (400) pounds of gravel or three hun- 
dred (300) pounds of slag for each one hundred (100) square feet. The gravel or slag shall be 
from one-quarter {%) inch to five-eighths {yi) inch in size, dry and free from dirt. 

GENERAL— The Felt shall be laid without wrinkles or buckles. Not less than one hundred 

and fifty (150) pounds of Pitch shall be used for constructing each one hundred (100) square 

feet of completed roof, and the Pitch shall not be heated above four hundred (400) degrees 

Fahrenheit. 

The roof shall be applied by a roofing contractor approved by The Barrett Company. He 

shall furnish The Barrett Company's Surety Bond Guaranty issued by the U. S. Fidelity and 

Guaranty Co. of Baltimore, covering a period of twenty (20) years from date of completion. 

in accordance with Note No. 1. 

NOTE No. 1. The Barrett Company will give its 20- Year Guaranty Bond on all jobs of five 

thousand (5000) square feet or more, in the United States and Canada, where its inspection service 

is available, providing the roof is laid by a roofing contractor approved by The Barrett Company, 

in strict accordance with the above specification and subject to Barrett inspection and approval. 

— — \ i- 

This specification does not include flashings. See Volume No. 3 for Flashing Specification. 

(CONDENSED SPECIFICATION) 

BARRETT SPECIFICATION TYPE "AA" (5-Ply) 

ROOF FOR USE OVER BOARDS 

FOR INCLINES NOT EXCEEDING TWO (2) INCHES TO THE FOOT 

ROOFING — Shall be a Barrett Specification Roof, Type "AA", laid in accordance with the 
Barrett Specification (for use over boards), by a roofing contractor approved by The Barrett 
Company. The roofing contractor shall furnish The Barrett Company's Surety Bond Guaranty 
for twenty (20) years, in accordance with Note No. 1 of said specification. 



This specification does not include flashings. See Volume No. 3 for Flashing Specification 
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BARRETT SPECIFICATION TYPE "AA" (4-Ply) 
ROOF FOR USE OVER POURED CONCRETE 

FOR INCLINES NOT EXCEEDING 
ONE (I) INCH TO THE FOOT 

HE roof deck shall be smooth, firm, dry and free from loose material. If roof deck is 
inclined, it shall be properly graded to outlets. 

FIRST — Coat the concrete uniformly with Specification Pitch. 

SECOND— Over the entire surface lay four (4) plies of Specification Tarred Felt, lapping each 
sheet twenty-four and one-half (24K) inches over preceding one, mopping with Specification 
Pitch the full twenty-four and one-half (24J4) inches on each sheet, so that in no place shall 
Felt touch Felt. 

THIRD — Over the entire surface pour from a dipper a uniform coating of Specification Pitch 
into which, while hot, embed not less than four hundred (400) pounds of gravel or three hundred 
(300) pounds of slag for each one hundred (100) square feet. The gravel or slag shall be from 
one-quarter {%) inch to five-eighths {H) inch in size, dry and free from dirt. 

GENERAL— The Felt shall be laid without wrinkles or buckles. Not less than two hundred 
(200) pounds of Pitch shall be used for constructing each one hundred (100) square feet of 
completed roof, and the Pitch shall not be heated above four hundred (400) degrees Fahrenheit. 

'1 he roof shall be applied by a roofing contractor approved by The Barrett Company. He shall 
furnish The Barrett Company's Surety Bond Guaranty issued by the U. S. Fidelity and Guaranty 
I >mpany of Baltimore, covering a period of twenty (20) \ears from date of completion, in 
accordance with Note No. 1. 

NOTE No. 1. The Barrett Company will give its 20-Year Guaranty Bond on all jobs of five 
thousand (5000) square feet or more, in the United States and Canada, where its inspection service 
is available, providing the roof is laid by a roofing contractor approved by The Barrett Company, 
in strict accordance with the above specification and subject to Barrett inspection and approval. 



t > 



This specification does not include flashings. See Volume No. 3 for Flashing Specification 



(CONDENSED SPECIFICATION) 

BARRETT SPECIFICATION TYPE "AA" (4 -Ply) 
ROOF FOR USE OVER POURED CONCRETE 



FOR INCLINES NOT EXCEEDING ONE (/) INCH TO THE FOOT 



ROOFING 



AA 



Barrett Specification (for use over concrete), by a roofing contractor approved by The Barrett 
Company. The roofing contractor shall furnish The Barrett Company's Surety Bond Guaranty 
for twenty (20) years, in accordance with Note No. 1 of said specification. 



i i 



This specification does not include flashings. See Volume No. 3 for Flashing Specification. 
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BARRETT SPECIFICATION TYPE "A" (3-Ply) 
ROOF FOR USE OVER POURED CONCRETE 

FOR INCLINES NOT EXCEEDING 



ONE (I) INCH TO THE FOOT 




If roof deck is 



HE roof deck shall be smooth, firm, dry and free from loose material, 
inclined, it shall be properly -graded to outlets. 

FIRST — Coat the concrete uniformly with Specification Pitch. 

SECOND— Over the entire surface lay three (3) plies of Specification Tarred Felt, lapping each 
sheet twenty-two (22) inches over preceding one, mopping with Specification Pitch the lull 
twenty-two (22) inches on each sheet so that in no place shall Felt touch Felt. 

THIRD — Over the entire surface pour from a dipper a uniform coating of Specification Pitch, 
into which, while hot, embed not less than four hundred (400) pounds of gravel or three hundred 
(300) pounds of slag for each one hundred (100) square feet. The gravel or slag shall be from 
one-quarter (X) inch to five-eighths (H) inch in size, dry and free from dirt. 

GENERAL— The Felt'shall be laid without wrinkles or buckles. Not less than one hundred 
and seventy-five (175) pounds of Pitch shall be used for constructing each one hundred (100) 
square feet of completed roof, and the Pitch shall not be heated above four hundred (400) 
degrees Fahrenheit. 

The roof shall be applied by a roofing contractor approved by The Barrett Company. He 
shall furnish The Barrett Company's Surety Bond Guaranty issued by the U. S. Fidelity and 
Guaranty Company of Baltimore, covering a period of ten (10) years from date of completion, 
in accordance with Note No. 1. 

NOTE No. 1. The Barrett Company will give its 10-Year Guaranty Bond on all jobs of five 
thousand (5000) square feet or more, in the United States and Canada, where its inspection service 
is available, providing the roof is laid by a roofing contractor approved by The Barrett Company, 
in strict accordance with the above specification and subject to Barrett inspection and approval. 



I I 



This specification does not include flashings. See Volume No. 3 for Flashing Specification. 



(CONDEXSED SPECIFICATION) 

BARRETT SPECIFICATION TYPE "A" (3-Ply) 
ROOF FOR USE OVER POURED CONCRETE 

FOR INCLINES NOT EXCEEDING ONE (/) INCH TO THE FOOT 

ROOFING Shall be a Barrett Specification Roof, Type "A", laid in accordance with the 

Barrett Specification (for use over concrete), by a roofing contractor approved by The Barrett 
Company. The roofing contractor shall furnish The Barrett Company's Surety Bond Guaranty 
for ten i 10) years, in accordance with Note No. 1 of said specification. 



t i 



This specification does not include flashings. See Volume No. 3 for Flashing Specification. 
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BARRETT SPECIFICATION TYPE "AA" (4-Ply) 

ROOF FOR USE OVER PRECAST 

CONCRETE SLABS 

FOR INCLINES NOT EXCEEDING 
ONE (I) INCH TO THE FOOT 

HE roof deck shall be smooth, firm, dry and free from loose material. If roof deck is 
inclined, it shall be properly graded to outlets. 

FIRST — Spot or strip mop each slab with Specification Pitch, care being taken that pitch 
moppings are held back to within four (4) inches from the edge of each joint. 

SECOND — Over the entire surface lay four (4) plies of Specification Tarred Felt, lapping each 
sheet twenty-four and one-half (24>£) inches over preceding one, mopping with Specification 
Pitch the full twenty-four and one-half (24>£) inches on each sheet, so that in no place shall 
Felt touch Felt. 

THIRD — Over the entire surface pour from a dipper a uniform coating of Specification Pitch, 
into which, while hot, embed not less than four hundred (400) pounds of gravel or three hundred 
(300) pounds of slag for each one hundred (100) square feet. The gravel or slag shall be from 
one-quarter {y£) inch to five-eighths (fg) inch in size, dry and free from dirt. 

GENERAL — The Felt shall be laid without wrinkles or buckles. Not less than two hundred 
(200) pounds of Pitch shall be used for constructing each one hundred (100) square feet of 
completed roof, and the Pitch shall not be heated above four hundred (400) degrees Fahrenheit. 

The roof shall be applied by a roofing contractor approved by The Barrett Company. He 
shall furnish The Barrett Company's Surety Bond Guaranty issued by the U. S. Fidelity and 
Guaranty Company of Baltimore, covering a period of twenty (20) years from date of completion, 
in accordance with Note No. 1. 

NOTE No. 1. The Barrett Company will give its 20-Year Guaranty Bond on all jobs of five 
thousand (5000) square feet or more, in the United States and Canada, where its inspection service 
is available, providing the roof is laid by a roofing contractor approved by The Barrett Company, 
in strict accordance with the above specification and subject to Barrett inspection and approval. 



i i 



This specification does not include flashings. See Volume No. 3 for Flashing Specification 



(CONDENSED SPECIFICATION) 

BARRETT SPECIFICATION TYPE "AA ff (4-Ply) ROOF 
FOR USE OVER PRECAST CONCRETE SLABS 

FOR INCLINES NOT EXCEEDING ONE (/) INCH TO THE FOOT 

ROOFING — Shall be a Barrett Specification Roof, Type "A", laid in accordance with the 
Barrett Specification (for use over precast concrete slabs), by a roofing contractor approved by 
The Barrett Company. The roofing contractor shall furnish The Barrett Company's Surety 
Bond Guaranty for twenty (20) years, in accordance with Note No. 1 of said specification. 
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This specification does not include flashings. See Volume No. 3 for Flashing Specification 
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BARRETT SPECIFICATION TYPE "A" (3-Ply) 

ROOF FOR USE OVER PRECAST 

CONCRETE SLABS 

FOR INCLINES NOT EXCEEDING 
ONE (I) INCH TO THE FOOT 

HE roof deck shall be smooth, firm, dry and free from loose material. If roof deck is 
inclined, it shall be properly graded to outlets. 

FIRST — Spot or strip mop each slab with Specification Pitch, care being taken that pitch 
moppmgs are held back to within four (4) inches from the edge of each joint 

SECOND — Over the entire surface lay three (3) plies of Specification Tarred Felt, lapping each 
sheet twenty-two (22) inches over preceding one, mopping with Specification Pitch the full 
twenty-two (22) inches on each sheet so that in no place shall Felt touch Felt. 

THIRD — Over the entire surface pour from a dipper a uniform coating ot Specification Pitch 

into which, while hot, embed not less than lour hundred (40 poun I of gravel or three hun- 
r< I ( J00) pounds ol slag for each one hundred (100) square feet. The gravel or slag shall be 
from one-quarter i%) inch to fivi ,hths i | inch in sue. dl ind free >m dirt. 

GENERAL— The Felt shall be laid without wrinkle or buckli Not k than one hu Ired 
and sevent five (17 I pounds of Pitch shall be used tor eon ucting each one hundred (100 

Square feet of completed roof, and the Pitch shall not be I Ited e four hundred (400) 

degrees I ihrenheil 

The roof shall he applii I by a roofi ; contractor approved I In I nn < am He- 
shall furnish '1 he Barrett ( , ,m in s Surer, Be I Guarant; isei II tl U s I idelit) and 

Guar ant] Company of Baltimore covering a period >ften(l y< > from dai »1 mpl n 

in accord, i nee with Note No I. 

NOTE No. 1. The Barrett < umpany will give li 1 \ ir < iarant\ I nd <>n all jobs i^e 
thousand J000) square feet or more, in the United States and Cai vh its mspcci mscrvic 

is available, providing the roof is laid b: i roofing conti r he Barrett < '»mp.mi 

in strict accordance with the above specificai si and subject to Barrett insp m and appr al 



< i 



This specification does not include fiashir See Volume No I r Flathing Spt n, 



(< VDENSED SPi < IFH W I V) 

BARRETT SPECIFICATION TYPE "A" (3-Ply) ROOF 
FOR USE OVER PRECAST CONCRETE SLABS 

FOR INCUNES NOT EXCEEDING ONE (I) INCH TO THE FOOT 

ROOFING Sha 11 be a B tl ^^< «1 Koof. Type S laid in a e with the 

Barrett: ecifcation r use over pre oncrete by >nr ■ ,r a\ roved by 

The Bar tt ( omi The roofing tractor shall furnish 1 he Barrett Company's m y 



Bond C it\ for ten (10) ars. m a rdance with \ote No. 1 of said spet on 



i i 



This sp^ ,n <ioes not incl '' things. See Volume •. 3 for Flashing Spe< ition 
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PLATE No 

VIII 



SPECIFICATION TYPE "AA" (4-Ply) ROOF 

FOR USE 
OVER POURED GYPSUM 



CAUTION: 

Do not tear out 
pages. Mail post 
card (in back of 
the book) and a 
blue print will 
be sent to you. 
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BARRETT SPECIFICATION TYPE "AA" (4-Ply) 

ROOF FOR USE OVER POURED GYPSUM 

FOR INCLINES NOT 

TWO (2) INCHES TO THE FOOT 





HE roof deck shall be smooth, firm, dry and free from loose material. If roof deck is 
inclined, it shall be properly graded to outlets. 

FIRST — Coat the gypsum uniformly with Specification Pitch. 

SECOND — Over the entire surface lay four (4) plies of Specification Tarred Felt, lapping each 
sheet twenty-four and one-half (24 }4) inches over preceding one, mopping with Specification 
Pitch the full twenty-four and one-half (24}4) inches on each sheet, so that in no place shall 
Felt touch Felt. Each sheet shall be nailed three (3) inches from the upper edge, nails to be 
spaced not more than two (2) feet apart. 

THIRD — Over the entire surface pour from a dipper a uniform coating of Specification Pitch, 
into which, while hot, embed not less than four hundred (400) pounds of gravel or three hundred 
(300) pounds of slag for each one hundred (100) square feet. The gravel or slag shall be from 
one-quarter (X) inch- to five-eighths (}4) inch in size, dry and free from dirt. 

GENERAL— The Felt shall be laid without wrinkles or buckles. Not less than two hundred 
(200) pounds of Pitch shall be used for constructing each one hundred (100) square feet of 
completed roof, and the pitch shall not be heated above four hundred (400) degrees Fahrenheit. 

The roof shall be applied by a roofing contractor approved by The Barrett Company. He 
shall furnish The Barrett Company's Surety Bond Guaranty issued by the U. S. Fidelity and 
Guaranty Company of Baltimore, covering a period of twenty (20) years from date of completion, 
in accordance with Note No. 1. 

NOTE No. 1. The Barrett Company will give its 20- Year Guaranty Bond on all jobs of five 
thousand (5000) square feet or more, in the United States and Canada, where its inspection 
service is available, providing the roof is laid by a roofing contractor approved by The Barrett 
Company, in strict accordance with the above specification and subject to Barrett inspection 
and approval. 

This specification does not include flashings. See Volume No. 3 for Flashing Specification. 



{CONDENSED SPECIFICATION) 



BARRETT SPECIFICATION TYPE "AA" (4-Ply) 
ROOF FOR USE OVER POURED GYPSUM 



FOR INCLINES NOT EXCEEDING TWO (2) INCHES TO THE FOOT 



ROOFING 



AA ". laid in accordance with the 



Barrett Specification (for use over poured gypsum), by a roofing contractor approved by The 
Barrett Company. The roofing contractor shall furnish The Barrett Company's Surety Bond 
Guaranty for twenty (20) years, in accordance with Note No. 1 of said specification. 



•3 I 



This specification does not include flashings. See Volume No. 3 for Flashing Specification. 
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PLATE No. 

IX 



SPECIFICATION TYPE "A" (3-Ply) ROOF 

FOR USE 
OVER POURED GYPSUM 



CAUTION: 

Do not tear out 
pages. Mail post 
card (in back of 
the book) and a 
blue print will 
be sent to you. 
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BARRETT SPECIFICATION TYPE "A" (3-Ply) 
ROOF FOR USE OVER POURED GYPSUM 

FOR INCLINES NOT EXCEEDING 
TWO (2) INCHES TO THE FOOT 




HE roof deck shall be smooth, firm, dry and free from loose material If roof deck is 
inclined, it shall be properly graded to outlets. 

FIRST — Coat the gypsum uniformly with Specification Pitch. 

SECOND — Over the entire surface lay three (3) plies of Specification Tarred Felt, lapping 
each sheet twenty-two (22) inches over preceding one, mopping with Specification Pitch the 
full twenty-two (22) inches on each sheet so that in no place shall Felt touch Felt. Each sheet 
shall be nailed six (6) inches from the upper edge, nails to be spaced not more than two (2) 
feet apart. 

THIRD — Over the entire surface pour from a dipper a uniform coating of Specification Pitch, 
into which, while hot, embed not less than four hundred (400) pounds of gravel or three hundred 
(300) pounds of slag for each one hundred (100) square feet. The gravel or slag shall be from 
one-quarter {%) inch To five-eighths (^i) inch in size, dry and free from dirt. 

GENERAL — The Felt shall be laid without wrinkles or buckles. Not less than one hundred 
and seventy-five (175) pounds of Pitch shall be used for constructing each one hundred (100) 
square feet of completed roof, and the Pitch shall not be heated above four hundred (400) 
degrees Fahrenheit. 

The roof shall be applied by a roofing contractor approved by The Barrett Company. He shall 
furnish The Barrett Company's Surety Bond Guaranty issued by the U. S. Fidelity and Guaranty 
Company of Baltimore, covering a period of ten (10) years from date of completion, in accordance 
with Note No. 1. 

NOTE No. 1. The Barrett Company will give its 10- Year Guaranty Bond on all jobs of five 
thousand (5000) square feet or more, in the United States and Canada, where its inspection 
service is available, providing the roof is laid by a roofing contractor approved by The Barrett 
Company, in strict accordance with the above specification and subject to Barrett inspection 
and approval. 



i i 



This specification does not include flashings. See Volume No. 3 for Flashing Specification. 



(CONDENSED SPECIFICATION) 

BARRETT SPECIFICATION TYPE "A" (3-Ply) 
ROOF FOR USE OVER POURED GYPSUM 

FOR INCLINES NOT EXCEEDING TWO (2) INCHES TO THE FOOT 

ROOFING — Shall be a Barrett Specification Roof, Type % \\ \ laid in accordance with the 
Barrett Specification (for use over poured gypsum), by a roofing contractor approved by The 
Barrett Company. The roofing contractor shall furnish The Barrett Company's Surety Bond 
Guaranty for ten (10) years, in accordance with Note No. 1 of said specification. 



i t 



This specification does not include flashings. See Volume No. 3 for Flashing Specification. 
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PLATE No 



SPECIFICATION TYPE "AA" (5-Ply) ROOF 

FOR USE 
OVER PRECAST GYPSUM SLABS 



CAUTION: 

Do not tear out 
pages. Mail post 
card i in back of 
the book i and a 
blue print will 
be sent to you. 
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BARRETT SPECIFICATION TYPE"AA"(5-Ply) 

ROOF FOR USE OVER PRECAST 

GYPSUM SLABS 

FOR INCLINES NOT EXCEEDING 
TWO (2) INCHES TO THE FOOT 

A LL joints between gypsum precast slabs shall be properly pointed. 

The roof deck shall be smooth, dry and free from loose material. If roof deck is 
inclined, it shall be properly graded to outlets. 

FIRST — Over the entire surface lay two (2) plies of Specification Tarred Felt, lapping each 
sheet seventeen (17) inches over preceding one and nail as often as is necessary to hold in place 
until remaining Felt is laid. 

SECOND — Coat the entire surface uniformly with Specification Pitch. 

THIRD — Over the entire surface lay three (3) plies of Specification Tarred Felt, lapping each 
sheet twenty-two (22) inches over preceding one, mopping with Specification Pitch the full 
twenty-two (22) inches on each sheet so that in no place shall Felt touch Felt. Each sheet 
shall be nailed six (6) inches from the upper edge, nails to be spaced not more than two (2) feet 
ipart. Nails shall not exceed seven-eighths (}i) inch in length and shall be driven through flat 
tin disks one (1) inch or more in diameter. 

FOURTH — Over the entire surface pour from a dipper a uniform coating of Specification Pitch, 
into which, while hot, embed not less than four hundred (400) pounds of gravel or three hundred 
300) pounds of slag for each one hundred (100) square feet. The gravel or slag shall be from 
one-quarter {%) inch to five-eighths (y%) inch in size, dry and free from dirt. 

GENERAL — The Felt shall be laid without wrinkles or buckles. Not less than one hundred 
and fifty (150) pounds of Pitch shall be used for constructing each one hundred (100) square 
feet of completed roof, and the Pitch shall not be heated above four hundred (400) degrees 
Fahrenheit. 

The roof shall be applied by a roofing contractor approved by The Barrett Company. He 
shall furnish The Barrett Company's Surety Bond Guaranty issued by the U. S. Fidelity and 
Guaranty Company of Baltimore, covering a period of twenty (20) years from date of com- 
pletion, in accordance with Note No. 1. 

NOTE No. 1. The Barrett Company will give its 20- Year Guaranty Bond on all jobs of five 
thousand (5000) square feet or more, in the United States and Canada, where its inspection 
service is available, providing the roof is laid by a roofing contractor approved by The Barrett 
Company, in strict accordance with the above specification and subject to Barrett inspection 
and approval. t( 

This specification does not include flashings. See Volume No. 3 for Flashing Specification. 



(CONDENSED SPEC I EI CA TI ON ) 

BARRETT SPECIFICATION TYPE "AA" (5-Ply) ROOF 

FOR USE OVER PRECAST GYPSUM SLABS 

FOR INCLINES NOT EXCEEDING TWO (2) INCHES TO THE FOOT 

ROOFING — Shall be a Barrett Specification Roof, Type "AA", laid in accordance with the 

Barrett Specification (for use over precast gypsum slabs), by a roofing contractor approved 

by The Barrett Company. The roofing contractor shall furnish The Barrett Company's Surety 

Bond Guaranty for twenty (20) years, in accordance with Note Xo. 1 of said specification. 

• < v 

This specification does not include flashings. See Volume No. 3 for Flashing Specification. 
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PLATE No 



SPECIFICATION TYPE "A" (4-Ply) ROOF 

FOR USE 
OVER PRECAST GYPSUM SLABS 



CAUTION: 

Do not tear out 
pages. Mail post 
card (in back of 
the book) and a 
blue print will 
be sent to you. 
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BARRETT SPECIFICATION TYPE "A" (4-Ply) 

ROOF FOR USE OVER PRECAST 

GYPSUM SLABS 

FOR INCLINES NOT EXCEEDING 
TWO (I) INCHES TO THE FOOT 

LL joints between gypsum precast slabs shall be properly pointed. 

The roof deck shall be smooth, dry and free from loose material. If roof deck 1^ 

mc ned. it shall be properly gr led to outlets. 

FIRST — Over the entire surface lay two (2) plies of Specification Tarred Felt lappin, each 
neet seventeen (17) inches over preceding one, and nail as often as is necess y to hold in place 
until remaining Felt is laid. 

SECOND— ( t the entire surface uniformly with Specification Pitch. 

THIRD Over the entire surface las two (2) plies of Specification Tarred Felt, lapping ich 

h ' nteen (17) inches over preceding one mopping with Spe ncation Pitch the full seven- 
teen (\7) inches on each sheet ->o that in no place hall Felt touch Felt. Each sheet shall K 
nail* six i - inches from the upi r ed nails to be spa^ d not more than two I', r apan 
i" ils shall not exceed "seven-eighths inch in length and shall \ dn\en through tl.it j 

lis! >ne (1) inch or more in diameter 

FOURTH Over the entire surface pour from a dipper a uniform I ting ot Specift Ition Pil i 



Into which while hot, embed not less than four hundred (400) pounds ( ivel or three hundre 

(300) pounds ot slag i each one hundred | 100) squar er The gravel or slag shall be I 

me-quarter i ' 4 ) inch to iive-eigl s inch m size Jr\ md fn fi en din 

GEM RAL — 'I he Felt .shall kid without wrinkles or buckles Not less than one hunt 

and twenty-five (125) pounds of Pitch shall be us, | tor constructing each on hundred (100 
sq re feet ol completed roof, and the Pitch shall not be heated above lex hundl I (400 

degrees Fahrenheit. 

I lie i of shall I ipplu\l In an ; ( >n tractor appro J b) I he P. irrett ( mpanv 1 f> 

shall furnish I he Barrett ( omj iny's Surer. Bon I m i J b\ t e U. s I lelitj md 

nit'. I ompany Ol Baltimore covering a period ol ten i |0) from date ol on i 

in accordance uith Note No. I. 

NOTE No. 1. The Barrett ( ompan) will gi\ its I" Year Guaraffl I m all jobs 

thousand JO0O) square feet or more in the Unit. Stat and I ma where il \ 

service is available, Dl sriding the roof is laid by a rooting ( ntractor ppro- J b. I he P> 
( Dm in' n strict accordance with the abo\e speeil >n u I subject I >arr t inspt i 

and approval. p 

I his pecitication does not include flash ii - See Volume No 3 for 1 >hmg Specifa n 

{CONDI '.v SPECIF h \i, 

BARRETT SPECIFICATION TYPE "A" (4-Ply) ROOF 

FOR USE OVER PRECAST GYPSUM SLABS 

FOR INCLINES NOT EXCEEDING TWO (2) INCHES TO THE FOOT 

ROOFING — :>hall be a Barrett Specification Root' Type \ , laid in aoco *nee uith the 
Barrett Spt fie at ion 'tor use over precast ;4>p v rn slai \ a roofing .ppr 

b\ I he Barrett Comp my The roofing ontraetor shall furnish The Barrett Compan jrcr\ 

Bond Guaranty tor ten (10 years in a^ >r^ nee with Note No I o ipec it ion. 

1 h 

Ihi> s| ition does not include tl hir See Volume > : for Fl hmg >pec 
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PLATE No 

XII 



SPECIFICATION TYPE "AA" (4-Ply) ROOF 

FOR USE 
OVER BOOK TILE 



CAUTION: 

Do not tear out 
pages. Mail post 
card (in back of 
the book I and a 
blue print will 
be sent to you. 




on ffesn/n<? <£. FfesS/rx? 3/ocfc. 
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BARRETT SPECIFICATION TYPE "AA"(4-Ply) 

ROOF FOR USE OVER BOOK TILE 

FOR INCLINES NOT EXCEEDING 
ONE (I) INCH TO THE FOOT 

THE surface of the book tile shall be finished off with not less than one-half {}/ 2 ) inch of 
Portland cement mortar. 

The roof deck shall be smooth firm, dry and free from loose material. If roof deck is in- 
clined, it shall be properly graded to outlets. 

FIRST — Coat the entire surface of the root deck uniformly with s pecification Pitch. 
SECOND— Over the entire surface la four (4) plies of Specn ation Tarred .-It. lapping e. h 

sheet twenty-four and one-half (24)4) inches over preceding one, mopping with Specif] ition 

Pitch the full twenty-four and one-half (24>£) inches on e. ; h sheet so th n no ice shall 
Felt touch I It 

THIRD — Ovei the entire surface pour from a dipper a uniform e< tit t Sp ill iti n Pitch 
into which, while hot, emb< not less than lour hundred (400) pounds oi < vel or thr hundred 
(300) -unds ol slag lor each one hundred | 100) | I ire I If; el or slag shall be I m 

<>n .u.iH %) inch to five-eighths (J \n n siz drj md f ree f r nd l 

GENERAL— The Fell shall I laid without wnnkK or buck] less than tv hundred 

(200) pounds of Pitch shall be used for conatru ing each one hundn 100 |uare f< t of com- 
plete root .md the Pii h shall not h ov< wf hundred 40 leg] I iht eil 

I d< roof shall be applied by a ro contrat -r approved b> The Ban ( on m) He 

hall furnish The Barrett Company's Suret md C irani II th I S I anJ 

' nty Company of Baltimon coveri t period of t went) JO i • vn date of complet i i 

m accordance with Note No. I 

NOTE No. I. The Barrett I impany will give it Year i mi Bond on all fV 

thousand (5000) square feet or more, in the Lnited States and < u ia, where its imp< >n ervice 

is available, providing the roof is laid I i ro ont »ra pn>\ I Ik Bam I in 

in strict accori nci with the above specification and t i Barr m^ ind • il 



c i 



I his s{ cifi< t ion does not include il hm 



S Volunu N I for Fl hmg cil it n 



{CONDI SED PECIFU \TU . 

BARRETT SPECIFICATION TYPE "AA" (4-PIy) 

ROOF FOR USE OVER BOOK TILE 

FOR INCLINES NOT EXCEEDING ONI </) /.\c// lo I Hi fOOT 

ROOFING— Shall be a Barrett Spt on Roof. 'I pc \ \ \. I m i rJancc w h the 

Barrett Specifical >n or use o\a hook til h\ a r fing contractor appro J b- I he I :tt 
Company. The roohng contractor shall furnish 1 he Barrett Compan 5ur< j Q nt 

>r twenty (20) \ in accon mcc with Note N I of saiJ spt ition. 



This spec 1 1 tion s not include flashing Sei \oIume No. I - [lashing Specif u >n. 
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PLATE No 

XIII 



r 



SPECIFICATION TYPE "A" (3-Ply) ROOF 

FOR USE 

OVER BOOK TILE 



CAUTION: 

Do not tear out 
pages. Mail post 

card in back of 
the book) an J a 
blue print will 
He sent to you. 
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BARRETT SPECIFICATION TYPE "A" (3- Ply) 

ROOF FOR USE OVER BOOK TILE 

FOR INCLINES NOT EXCEEDING 
ONE (I) INCH TO THE FOOT 

HE surface of the book tile shall be finished off with not less than one-half (#) inch of 
Portland cement mortar. 

1 he roof deck shall be smooth, firm, dry and free from loose material. If roof deck is inclined, 
t shall be properly graded to outlets. 

FIRST— Coat the entire surface of the roof deck uniformly with Specification Pitch. 

SECOND— Over the entire surface lay three (3) plies of Specification Tarred Felt, lapping 
ich sheet twenty-two (22) inches over preceding one, mopping with Specification Pitch the 
lull twenty-two (22) inches on each sheet so that in no place shall Felt touch Felt. 

-Over the entire surface pour from a dipper a uniform coating of Specification Pitch, 
int w hich, while hot, embed not less than four hundred (400.) pounds of gravel or three hundred 
•oil) pounds of slag for each one hundred (100.) square feet. The gravel or slag shall be from 
one-quarter {%) inch to ^five-eighths (H) inch in size, dry and free from dirt. 

GENERAL— The Felt shall be laid without wrinkles or buckles. Not less than one hundred 
and seventy-five (175) pounds of Pitch shall be used for constructing each one hundred (100) 
square feet of completed roof, and the Pitch shall not be heated above four hundred (400) 
degrees Fahrenheit. 

1 he roof shall be applied by a roofing contractor approved by The Barrett Company. He 
hall furnish The Barrett Company's Surety Bond Guaranty issued by the U. S. Fidelity and 

Guaranty Company of Baltimore, covering a period of ten (10) years "from date of completion, 

in accordance with Note No. 1. 

NOTE No. 1. The Barrett Company will give its 10- Year Guaranty Bond on all jobs of five 
thousand ( 5000) square feet or more, in the United States and Canada, where its inspection service 
is available providing the roof is laid by a roofing contractor approved by The Barrett Company, 
in strict accordance with the above specification and subject to Barrett inspection and approval. 



THIRD 



a 



This specification does not include flashings. See Volume No. 3 for Flashing Specification. 



(CO.XDE.XSED SPECIFICATION 

BARRETT SPECIFICATION TYPE "A" (3-Ply) 

ROOF FOR USE OVER BOOK TILE 

FOR INCLINES NOT EXCEEDING ONE (/) INCH TO THE FOOT 

ROOFING— Shall be a Barrett Specification Roof, Type X\ laid in accordance with the 
Barrett Specification (for use over book tile), by a roofing contractor approved by The Barrett 
Company. The roofing contractor shall furnish The Barrett Company s Surety Bond Guaranty 
tor ten (10) years, in accordance with Note No. 1 of said specification. 



i j 



This specification does not include flashings. See Volume No. 3 for Flashing Specification. 
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PLATE No 

XIV 



SPECIFICATION (4-Ply) ROOF 

FOR USE OVER 

LEVEL SURFACE (poured concrete) 



CAUTION: 

Do not tear out 
pages. Mail post 
card (in back of 
the book) and a 
blue print will 
be sent to you. 
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BARRETT SPECIFICATION (4-Ply) ROOF 

FOR USE OVER LEVEL SURFACE 

(POURED CONCRETE) 



FOR INCLINES NOT EXCEEDING 
ONE-QUARTER (H) INCH TO THE FOOT 




ML roof Jeck shall be smooth, firm, dry and free from loose material 



FIRST -( oat the concrete uniformly with Specification Pitch. 



SECOND— Over the entire surface la> two (2) plies of Specification Tarred Felt, lapping ich 

sh« i sevent( n (17) inches o\cr preceding one, mopping with Specification Pitch the lull 

seventeen (17) inches on each sheet, so that in no place shall ( t ich Felt. 



THIRD Coat the entire surfao uniform!) with Sp ificai i Pitch 



I OURTH ()\ i t he entire surl la) tw I) plies ol Specifi n Lim I dr. lap] g each 

si I s< ent n (17) inches over pi ling one mopi with S| Pitch the lull a- 

n (17) inches on each sh I so that in no pi C shall Felt tOU h Fell 



FIFTH Over the entire surfao pour from a dippei i umt.-rm c Specifi ition Pitch, 

into which, while hot, embed not k i than nir hun I |0() inds i ^i I or thr i I mdr 

100) pou i Is ol slag l<>r each one hundred I 100) square fc< I he gravel or i ; hall n 

ne-quaru i , inch to five-eighths i inch in dr\ I i\ m dirt. 



(.1 NERAL — The Felt shall l I I without wrinkli r bucl N I than two h idre 

200) pounds ol Pitch shall be u ed for construe! n.n each one h idred 00) v feet of 

leted roof and the Pitch shall nor be heated abo\e tour hun • I . ■ - ii 



1 he roof shall be applied b) a r- com ictor a\ fhc Barrett ( ompanj He 



shall furnish The I trrett Com] tnj a 5ur< . Bond Gu intj i 11 die I S. I md 

iuarant) I »mpan> ol Baltimore, c iod of twenty (20 trom d i m 

pletion, in accordance with Note No I 



NOTE No. 1. The I rrett I mpan\ will give il -Yeai I uai ml E rid on all ive 

thousand i 500 square feet or more, in the I nited Stat md I m. ir »n service 

bavailahU providing the i f is laid I a ro contractor appn i in npan) 

in strict accordance with the above specifi ition I sul :ct to Barrett in ect n and approval 



< i 



This ttcificatiofl d not include flashings. See Volume No. 3 for Flash % Specification. 
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PLATE No 

XV 



SPECIFICATION (4-Ply) ROOF 

FOR USE OVER 

LEVEL SURFACE (poured gypsum 



CAUTION: 

Do not tear out 
pages. Mail post 
card in back of 
the book; and a 
blue print will 
be sent to you. 
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BARRETT SPECIFICATION (4-PIy) ROOF 

FOR USE OVER LEVEL SURFACE 

(POURED GYPSUM) 



FOR INCLINES NOT EXCEEDING 
ONE-QUARTER (H) INCH TO THE FOOT 






r I ^HLi roof deck shall be smooth, firm, dry and free from loose matei il. 

FIRST— Coat the gypsum uniformly with Specification Pitch. 



SECOND — Over the entire surface lay two (2) plies of Specifi ition Tan 1 I elt, lapping each 

heet seventeen (17) inches over preceding one, mopping with Specification Pitch the full seven 

teen (17) inches on each sheet, o that in no place shall Felt touch Felt. 



THIRD — Coat the entire surface uniformly with Specifics n Pitch. 



FOURTH— Over the entire surfa-. two (2) plies of s p '<>n lined I It, lap h 

sheet seventeen (17) inches over pi Im ie mopping with Specific >n Pitch the full si 
teen (17) inches on each sheet, so that in no pi a til I It tou h I 



\- 



FIFTH — Over the entire surface pour I >m i lipper a uniform < i ift ition Piti 

into which, while hot, embed not less than four hundn 4(><) i ; hi hi d 

H00) pounds of si, >r each on. hundr I he gra> I or slajj shall n 

-quarter {%) inch to hve-i hths I inch in si i n rt. 



GENERAL— The Felt shall be laid without wrinkles or bu It I n two hui I 

(200) pounds ol Pitch shall he used lor constructing each hundi d ( 100 >| i i- 

pleted root, and the Pitch shall not be hea id al >ve tour hundn degi I irenl r 



The roof shall be applied by a r ifiny contract r appro' J I fie 1 rn ( >m m\ I I 

shall furnish The I irretl ( impany's >un Pond Cuarant I I th I Fid 

Guaranty Company of Baltimore, covering i period of twent) »m date 

pletion, m a*, ordance with Note No I. 



NOTE No. 1. The Barrett ( mi will give its l^A vt iran r »n I m all jol .e 

ihoi md Mint) net-, c or more in the I edSl and' inad wht r iservicc 

i> a\ailable. providing the root is laid I ofing contract >r appi Tl irrett ( 

in strict accordance with the above specif Lion and subject I rett ir >n and approval 



<i 



fhis specification ci< s not inch shings See Volume No. 3 for Fla ng Specific i. 



PLATE No. 

XVI 



SPECIFICATION (5-Ply) ROOF 

FOR USE OVER CONCRETE 

UNDER PROMENADE TILE SURFACE 



CAUTION : 

Do not tear out 
pages. Mail post 
card (in back of 
the book) and a 
blue print will 
be sent to you. 







BARRETT SPECIFICATION (5-Ply) ROOF 

FOR USE OVER CONCRETE UNDER 

PROMENADE TILE SURFACE 

FOR INCLINES NOT EXCEEDING 
ONE (I) INCH TO THE FOOT 

THE roof deck shall be smooth, firm, dry, properly graded to outlets, and free from loose 
material. 

FIRST — Coat the concrete uniformly with Specification Pitch. 

SECOND — Over the entire surface lay two (2) plies of Specification Tarred Felt, lapping each 
sheet seventeen (17) inches over preceding one, mopping with Specification Pitch the full 
seventeen (17) inches on each sheet, so that in no place shall Felt touch Felt. 

THIRD — Coat the entire surface uniformly with Specification Pitch. 

FOURTH — Over the.entire surface lay two (2) plies of Specification Tarred Felt, lapping each 
sheet seventeen (17) inches over preceding one, mopping with Specification Pitch the full seventeen 
(17) inches on each sheet, so that in no place shall Felt touch Felt, 

FIFTH — Coat the entire surface uniformly with Specification Pitch. 

SIXTH — Immediately preceding the laying of the tile, thoroughly clean the surface of the 
roof and mop same with Specification Pitch, into which, while hot, embed one (1) layer of Speci- 
fication Felt, lapping each sheet two (2) inches over preceding one. Over this surface and immedi- 
ately preceding the laying of the tile, spread a heavy uniform coating of Specification Pitch. 
No more of the roof surface shall be covered with the final or last ply of Felt and mopping of 
Pitch than is covered at the same time with tile and is necessary to allow for proper connections. 

Over the Felt and Pitch roofing thus laid, 1 " x 6" x 9" vitrified clay tile (approved by the architect) 
shall be set in not less than three-fourths {%) inch of Portland cement mortar (1 to 3 mix) and 
joints grouted full with Portland cement mortar (1 to 2 mix). The tile shall be laid to show 
three-sixteenths {%) inch to one-fourth ()4) inch joints. Expansion joints three-fourths (^) 
inch wide filled with a plastic mixture (approved by the architect) shall be provided between 
the tile and all flashings, and either metal or mastic expansion joints shall be provided throughout 
the roof surface as may be necessary to take care of expansion. All expansion joints shall extend 
from the top of the tile through the cement mortar to the Felt and Pitch water-proofing. 

GENERAL — The Felt shall be laid without wrinkles or buckles. Not less than two hundred 
(200) pounds of Pitch shall be used for constructing each one hundred (100) square feet of com- 
pleted roof, and the Pitch shall not be heated above four hundred (400) degrees Fahrenheit. 

The roofing contract is to be awarded to a responsible roofing contractor, who has had experience 
in this kind of work, and who can refer to similar roofing where his work has proved watertight. 



( x 



This specification does not include flashings. See Volume No. 3 for Flashing Specification. 
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